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SEE RISER 4 DIVC E-23 ft 
DWG E-18 FOR CONTINUATION. 


OOWH TO CIRCUIT BREAKER 
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1#4/0 TO BUILDtNG 
GND RISER 

REROUTE NEW CONDUIT 
ft CONDUCTORS OVER 
BUSWAY ft CABLE TAP 
BOX. MATCH EXIST CONDUCT 
ft CONDUCTORS 

EXIST CONDUIT ft 
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SEE RISER DWG £-23 ft 
DWG E-18 FOR CONTINUATION. 


DOWN TO CIRCUIT BREAKER 
#65-1. SEE SCHEDULE 
ON THIS DRAWING FOR 
FEEDER SIZE 

^— ©OWN TO CIRCUIT BREAKER 
#65-2. SEE SCHEDULE 
ON THIS DRAWING FOR 
FEEDER SIZE 

2000A COffPER BUSWAY. 
SEE GEN. NOTE #7. 
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NOTES: 

* 1- SEE DRAWING £-1 FOR BUSWAY SCHEDULE ft GENERAL NOTES. 
2. INTERCEPT EXISTING TENANT FEEDERS, FOR 66TH FLOOR TENANT 
SPACE AT EXISTING PULLBOXES IN ELEC CLOS AND REFEED TO 
NEW SWITCHES. 
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BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE. THIS 
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DISCONNECT ft REMOVE EXISTING 
PLUG IN FUSED SWITCHES AND 
REPLACE WITH PLUG IN CIRCUIT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE, THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY. 

TO EXIST LIGHTING PANEL. 

2000* COPPER BUSWAY. SEE 
GEN. NOTE #7. DWG E-1. 

REMOVE EXISTING 1600A ALUMINUM BUSWAY. 
SEE GENERAL NOTE #13 ft 14 DWG E-1. 
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ALUMINUM. PAIRED PHASE 
BUSWAY TO MATCH EXISTING 
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SEE GENERAL N0T£#9. 
DWG E-1. 


REMOVE 2 EXIST PLUG-IN SWITCHES 
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FEEDERS AS REQUIRED. 
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